(4)   The inside of each of the junction boxes was
rusted, wet and contained accumulations of coal dust.

(5)   There was no clamping at all for the cables
entering the head conveyor junction box and the tail conveyor
junction box.

20.    The loose and missing packing glands for the head
face, mid face and tail gate junction boxes did not provide
the flame path protection required to prevent the escape of
flames from the junction boxes should an ignition occur inside.
Thus, the junction boxes were not permissible.

21.    The electrical cables linking the head face, mid
face and tail gate junction boxes were subject to the move-
ment inherent in the operation of the pan line.  Since there
were neither clamps nor packing glands to restrain movement
of the cables, the cables were subject to rubbing against
packing nuts and straining the internal connections within
the junction boxes.

22.    Sparks and ignitions are likely within the junction
boxes if lead wires come into contact with the junction box
frames.  Loosening electrical connections within the junction
boxes may generate heat causing the breakdown of the wires'
insulation and thus cause bare wires to contact the box
frames.

23.    Each of the junction boxes had become rusty, wet
and had accumulated coal dust.  Since the Longwall area was
subject to the liberation of methane and the generation of
coal dust, the junction boxes were hazardous, and lacked

the protection that properly maintained packing glands would
have provided to contain flames and explosions.  A fire or
explosion in one of the junction boxes could have easily
spread outside the box to the surrounding atmosphere in the
mine.

24.    After Petty had discovered the modifications to
the Longwall unit and the hazardous conditions listed above,
he issued a section 104 (d) (2) withdrawal order, citing
unauthorized modifications and permissibility violations.

25.    Petitioner was aware of the official process by which
approvals, certifications and modifications are to be obtained.
For example:

(1)  During the summer of 1981, prior to the startup
of the mine's 1st Longwall operation on Section D-3, Inspectors
Petty and Shuttlesworth along with Electrical Engineer Hallditions
